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Disclosure to Promote the Right To Information 

Whereas the Parliament of India has set out to provide a practical regime of right to 
information for citizens to secure access to information under the control of public authorities, 
in order to promote transparency and accountability in the working of every public authority, 
and whereas the attached publication of the Bureau of Indian Standards is of particular interest 
to the public, particularly disadvantaged communities and those engaged in the pursuit of 
education and knowledge, the attached public safety standard is made available to promote the 
timely dissemination of this information in an accurate manner to the public. 
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AMENDMENT NO. 2 NOVEMBER 1994 

TO 

IS 2724 : 1964 QUALITY TOLERANCES FOR WATER 

FOR PULP AND PAPER LNDUSTRY 

( Page 4, Table 1 ) — Add the folhiwing allcr SI No (viii) 
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( Page 4 ) — ^ Add the lollov^mg fool-note at the cud. 

''Meihods of sampling and test ( pbysicai and chemical ) fot v^aler Ax^d v,astev»ateT Part M 
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IS{ 2724. 1964 

Indian/ Standard 

QUALITY TOLERANCES FOR WATER 
FOR PULP AND PAPER INDUSTRY 

0. FOREWORD 

OJ This Indian Standard was adopted by the Indian Standards Institu- 
tion on 3 April 1964, after the draft finalized by the Water Sectional 
Committee had been approved by the Chemical Division GounciL 

0.2 Processing in pulp and paper industry is greatly affected by certain 
impurities present in water. Turbidity and colour affect the brightness 
and colour of the final paper. Constituents that cause hardness react with 
certain types of sizing materials producing insoluble deposits causing uneven 
sizing. Iron and manganese cause staining and loss of brightness. Cor- 
rosive waters dissolve iron from parts of the machinery. Algae and mould 
spores cause scnii- transparent spots. This standard is intended to guide 
pulp and paper manufacturers in judging the suitability of a particular 
supply of water for that industrv and in planning the type of treatment 
required for available supplies of water, 

0,3 In the preparation of this standard, assistance has been obtained from 
Special Technical Publication No, 148-D Manual on Industrial Water and 
Industrial Waste Water, Second Edition 1959, published by the American 
Society for Testing and Materials, USA. 

0.4 For the purpose of deciding whether a particular requirement of this 
standard is complied with, the final value, observed or calculated, expres- 
sing the result of a test or analysis, shall be rounded off in accordance 
with IS : 24960 Rules for Rounding Off Numerical Values ( Reiised ). The 
number of significant places retained in the rounded off value should be the 
same as that of the sperified value in this standard. 

0,5 This standard is intended chiefly to cover the technical provisions 
relating to water for pulp and paper industry, and it docs not include all 
the necessary provisions of a contract* 



!• SCOPE 



IJ This standard prescribes the quality tolerances for water used in pulp 
and paper industry. 
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2. TOLERANCES 

2J CorromMty — The water shall be non-corrosive when tested as pre- 
scribed in Appendix A. 

2«2 Alym^ mud M0isld Sp&rmM — The water shall be free from algse and 
mould spores when tested as prescribed in 4 of IS : 1622-1964 Methods 
of Sampling and Test for Microbiological Examination of Water Used 
in Industry, 

2.3 Odour — The water shalj be free from objectionable odour. 

2.^ The water shall also comply with the tolerance:* given in- Table 1 
when *^estcd according to methods given in IS : 3025-1964 Methods of 
Sampling and Test ( Physical and Chemical ) for Water Used in 
Industry. Reference to the relevant clauses of the standard is given in 
col 8 of the table. 

3. SAMPUNG 

3*1 Representative test samples of water shall be drawn as prescribed 
in 2 oi IS : 1622-1964 Methods of Sampling and Test tor Microbiofogical 
Examination of Water Used in Industry, and 2 of IS : 3025-1964 Methods 
of Sampling and Test ( Physical and Chemical ) for Water Used in 
Industry. 

4. TEST METHODS 

4.1 Tests shall be carried outpresc prescribed in Appendix A and the 
appropriate clauses, indicated against the characteristic in Table 1, of 
IS: 1622-1964 Methods of Sampling and Test for Microbiological 
Examination of Water Used in Industry, and IS : 3025-1964 Methods of 
Sampling and Test ( Physical and Chemical ) for Water Used in 
Industry, 

APPENDIX A 
( Clauses 2 J and 4 A ) 

TEST FOR CORROSIVITY 

A4>. PRINCIPLE OF THE METHOD 

A-0.1 This qualitative test determines the stability of water with re^przt 
to calcium carbonate. The /»H of the water is determined before and 
after treatment with calcium carbonate. Any increase inpH as a result of 
this test indicates corrosivity* 
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A-OJ.l If, due to non«availability of a ^H meter, it ii inccnvement to 
determine pH^ the test is carried out by deterEaissing alkalinity of the 
Vijater. 

A-l. RSiiiGENT 

A-1.1 Prfieipit&ted GmlciMSM CWrb^^nftte — pure. Place about 10 g of 
the powdered material in a 250-ml glais^stoppered bottle. Wash thrice 
with portions of the sample to be tested, by stirring, allowing to settle for 
several nii.^utes and then pouring off the supernatant liquid while 
still turbid. 

A.2. PROCEDURE 

ArXt Determine the pit or total alkalinity ( see A«4)J.l ) of the sample 
as prescribed in » or 13 respectively ol IS : 3025-1964 Methods of 
Sampling and Test (Physical and Chemical) for Water Used in 
Industry. 

A-S*? Take the glass-stoppered bottle containii^ washed calcium carbonate 
( see A-l-l ), fill it up with the sample and insert the stopper without 
allowing any air bubble to remain. Shake well to bring the powdei: in 
suspension throughout the bottle and set aside. Repeat shaldng at 
frequent intervals for about 4 hours. Finally, allow to stand overnight and 
then filter rapidly by decanting through a filter paper. Determine the ^H 
or total alkalinity of the filtrate. 

A'*2.3 The water shall be considered non-corrcsive if the pH or total 
alkalinity determined in A-2.2 is not greater than that determined 
in A.2.1. 
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